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iron disc, also that the exhaust pipe does not produce any back
pressure below the flange. Place a thermometer in each cup, and,
opening the -|-inch valve wide, let steam flow through the instru-
ment for ten or fifteen minutes; then take frequent readings on the
two thermometers and the boiler gauge, say at intervals of one
minute.
The throttling calorimeter depends on the principle that dry steam
when expanded from a higher to a lower pressure without doing
external work becomes superheated, the amount of superheat de-